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SUBJECT:  Monroe  City  South  Lake  Dam  (Mo*  10538)  Phase  I  Inspection 
Report 


This  report  presents  the  results  of  field  inspection  and  evaluation  of 
the  Monroe  City  South  Lake  Dam  (Mo*  10538). 

It  was  prepared  under  the  National  Program  of  Inspection  of  Non-Federal 
Dams. 

This  dam  has  been  classified  as  unsafe,  non-emergency  by  the  St.  Louis 
District  as  a  result  of  the  application  of  the  following  criteria: 

1)  Spillway  will  not  pass  50  percent  of  the  Probable  Maximum  Flood 

2)  Overtopping  could  result  in  dam  failure 

3)  Dam  failure  significantly  increases  the  hazard  to  loss  of  life 
downstream 
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Name  of  Dam: 

State  Located: 
County  Located: 
Stream: 

Date  of  Inspection: 


Monroe  City  South  Lake  Dam,  Missouri  Inv. 

Missouri 

Monroe 

Off stream  of  Little  Indian  Creek 
June  12,  1979 


No. 


10538 


Assessment  of  General  Condition 


Monroe  City  South  Lake  Dam  was  inspected  by  the  engi¬ 
neering  firms  of  Consoer,  Townsend  and  Associates  Ltd* ,  and  Engi¬ 
neering  Consultants,  Inc.  (A  Joint  Venture)  of  St.  Louis,  Missouri 
using  the  "Recommended  Guidelines  for  Safety  Inspection  of  Dams". 
These  guidelines  were  developed  by  the  Chief  of  Engineers,  U.S. 
Army,  Washington,  D.C.,  with  the  help  of  Federal  and  State  agen¬ 
cies,  professional  engineering  organizations,  and  private  engi¬ 
neers.  The  resulting  guidelines  are  considered  to  represent  a 
consensus  of  the  engineering  profession. 

Based  on  the  criteria  in  the  guidelines,  the  dam  is  in 
the  high  hazard  potential  classification,  which  means  that  loss  of 
life  and  appreciable  property  loss  could  occur  in  the  event  of 
failure  of  the  dam.  The  estimated  damage  zone  extends  about  two 
miles  downstream  of  the  dam.  Within  the  damage  zone  are  one 
dwelling,  one  pumphouse  and  two  crossings  of  U.S.  Highway  24,  which 
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may  be  subjected  to  flooding,  with  possible  damage  and/or  destruc¬ 
tion,  and  possible  loss  of  life.  Monroe  City  South  Lake  Dam  is  in 
the  small  size  classification  since  it  is  less  chan  40  feet  high 
and  impounds  less  than  1,000  acre-feet  of  water. 

Our  inspection  and  evaluation  indicates  that  the  spill¬ 
way  of  Monroe  City  South  Lake  Dam  does  not  meet  the  criteria  set 
forth  in  the  guidelines  for  a  dam  having  the  above  size  and  hazard 
potential.  Monroe  City  South  Lake  Dam  being  a  small  size  dam,  with 
a  high  hazard  potential,  is  required  by  the  guidelines  to  pass  from 
one-half  of  the  Probable  Maximum  Flood  to  the  Probable  Maximum 
Flood  without  overtopping.  Since  there  is  high  hazard  potential 
downstream  of  the  dam,  the  appropriate  spillway  design  flood  for 
this  dam  is  the  Probable  Maximum  Flood.  It  was  determined  that  the 
reservoir /spillway  system  can  accomodate  25  percent  of  the  Probable 
Maximum  Flood  without  overtopping  the  dam.  Our  evaluation  indi¬ 
cates  that  the  reservoir/spillway  system  will  accommodate  the  100- 
year  flood  without  overtopping. 

The  Probable  Maximum  Flood  is  defined  as  the  flood 
discharge  that  may  be  expected  from  the  most  severe  combination  of 
critical  meteorological  and  hydrologic  conditions  that  are  reason¬ 
ably  possible  in  the  region.  The  100-year  flood  is  defined  as  a 
flood  having  a  one  percent  chance  of  being  equalled  or  exceeded 
during  any  given  year. 

It  is  recommended  that  the  owner  take  action  to  correct 
the  deficiency  in  the  spillway  capacity. 

Other  deficiencies  noted  by  the  inspection  team  were:  a 
small  depression  caused  by  a  shallow  slide  on  the  downstream  slope; 
deteriorated  concrete  in  the  spillway  and  discharge  apron;  brush 
growing  in  the  upstream  slope;  erosion  along  the  upstream  crest; 
brush  growing  in  the  discharge  channel;  an  inoperable  low  level 
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outlet;  a  lack  of  periodic  inspection  by  a  qualified  engineer  and  a 
lack  of  a  maintenance  schedule.  The  lack  of  seepage  and  stability 
analyses  on  record  is  also  a  deficiency. 


It  is  recommended  that  the  owner  take  action  to  correct 
or  control  the  deficiencies  described  above. 
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PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 

MONROE  CITY  SOUTH  LAKE  DAM,  Missouri  Inv.  No.  10538 


SECTION  1:  PROJECT  INFORMATION 


1  General 


a-  Authority 

The  Dam  Inspection  Act,  Public  Law  92-367  of 
August,  1972,  authorizes  the  Secretary  of  the  Army,  through 
the  Corps  of  Engineers,  to  initiate  a  national  program  of  dam 
inspections.  Inspection  of  Monroe  City  South  Lake  Dam  was 
carried  out  under  Contract  DACW  43-79-C-0075  between  the 
Department  of  the  Army,  St.  Louis  District,  Corps  of  Engi¬ 
neers,  and  the  engineering  firms  of  Consoer,  Townsend  &  Asso¬ 
ciates  Ltd.,  and  Engineering  Consultants,  Inc.  (A  Joint 
Venture),  of  St.  Louis,  Missouri. 

b.  Purpose  of  Inspection 

The  visual  inspection  of  Monroe  City  South  Lake  Dam 
was  made  on  June  12,  1979*  The  purpose  of  the  inspection  was 
to  make  a  general  assessment  as  to  the  structural  integrity 
and  operational  adequacy  of  the  dam  embankment  and  its  appur¬ 
tenant  structures. 
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c.  Scope  of  Report 

This  report  summarizes  available  pertinent  data 
relating  to  the  project;  presents  a  summary  of  visual  observa¬ 
tions  made  during  the  field  inspection;  presents  an  assessment 
of  hydrologic  and  hydraulic  conditions  at  the  site;  presents 
an  assessment  as  to  the  structural  adequacy  of  the  various 
project  features;  and  assesses  the  general  condition  of  the 
dam  with  respect  to  safety. 

Subsurface  investigations,  laboratory  testing,  and 
detailed  analyses  were  not  within  the  scope  of  this  study. 
The  conclusions  drawn  herein,  therefore,  are  based  on  the 
presence  of,  or  absence  of,  obvious  signs  of  distress.  No 
warranty  as  to  the  absolute  safety  of  the  project  features  is 
implied  by  the  conclusions  presented  in  this  report. 

It  should  be  noted  that  reference  in  this  report  to 
left  or  right  abutments  is  as  viewed  looking  downstream.  Where 
left  abutment  or  left  side  of  the  dam  is  used  in  this  report, 
this  also  refers  to  south  abutment  or  side,  and  right  to  the 
north  abutment  or  side. 

d.  Evaluation  Criteria 

Criteria  used  to  evaluate  the  dam  were  furnished  by 
the  Department  of  the  Army,  Office  of  the  Chief  of  Engineers, 
in  "Recommended  Guidelines  for  Safety  Inspection  of  Dams", 
Appendix  D.  These  guidelines  were  developed  with  the  help  of 
several  Federal  agencies  and  many  State  agencies,  professional 
engineering  organizations,  and  private  engineers. 


-2- 


1.2 


Description  of  the  Project 
a*  Description  of  Dam  and  Appurtenances 

The  following  description  Is  based  largely  on 
available  drawings. 

The  dam  consists  of  a  zoned  earth  embankment 
between  earth  abutments.  The  crest  width  is  12  feet  and  the 
total  length  of  the  dam  Is  shown  as  1,008  feet  on  the  1937 
drawing,  however,  the  actual  length  was  measured  to  be  about 
972  feet.  The  crest  elevation  Is  716  feet  above  M.S.L.  based 
on  available  drawings  and  an  assumed  spillway  crest  elevation 
of  713  feet.  The  maximum  section  shown  on  the  plan  has  a 
height  of  about  31  feet  excluding  stripping. 

The  upstream  slope  of  a  typical  section  Is  shown  as 
1.0V  to  2.5H,  while  the  downstream  slope  Is  shown  as  1.0V  to 
2. OH.  A  clay  zone  In  the  dam  constitutes  the  major  portion 
of  the  upstream  slope.  The  downstream  edge  of  the  crest  of 
the  clay  embankment  Is  located  8  feet  back  from  the  downstream 
side  of  the  dam  crest.  The  top  of  the  clay  zone  is  at  eleva¬ 
tion  713  feet.  From  this  elevation  the  clay  zone  slopes 
downstream  at  1.0V  to  1.0H  from  the  centerline.  The  remainder 
of  the  dam  is  shown  as  earth  with  no  reference  to  specific 
material  type.  A  reinforced  concrete  core  wall  is  shown  along 
a  vertical  through  the  downstream  edge  of  the  crest  of  the 
clay  embankment  between  stations  2+15  and  5+13.  The  elevation 
of  the  top  of  the  core  wall  is  at  695.89  feet.  A  core  trench 
is  shown  along  the  entire  length  of  the  dam.  Stone  facing  is 
shown  along  the  upstream  slope  to  a  thickness  of  12  to  18 
inches . 
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The  spillway  was  not  constructed  according  to  the 
design  drawings  but  rather  parallel  to  the  main  axis  of  the 
dam.  The  spillway  consists  of  a  50.25  foot  wide  reinforced 
concrete  rectangular  weir  on  the  left  abutment.  Hie  spillway 
crest  is  assumed  to  be  at  elevation  713  feet.  The  spillway 
channel  is  constructed  of  stone  and  mortar.  The  channel 
undergoes  a  transition  from  a  rectangular  section  at  the 
discharge  apron  to  a  50  foot  wide  trapezoidal  section  with 
1.0V  to  1.0H  side  slopes  farther  downstream. 

A  pumphouse  is  located  immediately  downstream  of 
the  dam.  The  intake  structure  is  a  9  foot  square  reinforced 
concrete  tower  with  three  6-inch  diameter  intakes.  The  first 
is  located  8  feet  below  the  normal  water  surface  elevation, 
the  next  16  feet  below  normal  pool,  and  the  last  23  feet  below 
normal  pool.  A  6-inch  diameter  cast  iron  pipe,  approximately 
280  feet  long,  connects  the  intake  structure  with  the  pump 
house.  The  pumphouse  is  equipped  with  two  pumps.  One  is 
mounted  vertically  and  the  other  is  mounted  horizontally.  The 
vertically  mounted  pump  normally  operates  continuously.  At 
the  time  of  the  inspection,  the  horizontally  mounted  centrif¬ 
ugal  pump  was  not  in  service  and  was  awaiting  repairs. 

Available  drawings  show  a  14-inch  diameter  cast 
iron  pipe  approximately  300  feet  long  which  serves  as  a  low 
level  outlet.  The  pipe  is  located  at  station  4+09  along  the 
dam  axis.  The  visual  inspection,  however,  revealed  a  9-inch 
diameter  pipe  rather  than  the  14-inch  pipe  indicated  on  the 
drawing. 

The  regional  geologic  setting  of  the  dam  places  it 
on  essentially  flat-lying  rocks.  The  dam  site  is  on  a  syn¬ 
clinal  fold,  which  flanks  the  Lincoln  Fold,  whose  north¬ 
westerly  trending  axis  is  about  six  miles  to  the  northeast 
("Structural  Features  Map  of  Missouri",  1971). 
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The  rocks  underlying  the  site  are  believed  to  be 
from  the  Cabiness  subgroup  of  the  Cherokee  Group  (Pennsyl¬ 
vanian)  (Geologic  Map  of  Missouri,  1979) *  These  beds  are 
cyclic  deposits  of  predominately  sandstone  and  shale  (Clay- 
stone)  with  some  associated  coal  beds.  No  known  outcrops 
exist  in  the  vicinity  of  the  dam  site*  Plate  9  is  a  portion 
of  the  Geologic  Map  of  Missouri  showing  the  damsite. 

The  area  around  the  dam  is  characterized  by  rela¬ 
tively  flat  uplands  which  are  quite  deeply  dissected  by  the 
streams  crossing  the  area. 

b.  Location 

The  Monroe  City  South  Lake  Dam  is  located  off  of 
Little  Indian  Creek  in  Monroe  County,  Missouri.  A  location 
map  of  the  dam  is  presented  as  Plate  1,  page  P-2.  The  loca¬ 
tion  of  the  dam  is  also  shown  on  the  drainage  basin  map, 
Plate  1  in  Appendix  B.  There  are  no  downstream  communities 
between  the  dam  and  where  Little  Indian  Creek  discharges  into 
the  Salt  River.  The  dam  and  lake  are  shown  on  the  Joanna, 
Missouri  Quadrangle  Sheet  (7.5  Minute  Series)  in  Section  30, 
Township  56  North,  Range  7  West. 

c.  Size  Classification 

According  to  the  "Recommended  Guidelines  for  Safety 
Inspection  of  Dams",  by  the  U.S.  Department  of  the  Army, 
Office  of  the  Chief  Engineer,  the  dam  is  classified  in  the  dam 
size  category  as  being  "Small"  since  its  storage  is  less  than 
1,000  acre-feet.  The  dam  is  also  classified  as  "Small"  in  dam 
height  category  because  its  height  is  less  than  40  feet.  The 
overall  size  classification  is,  accordingly,  "Small"  in  size. 


4 


-5- 


d.  Hazard  Classification 

The  dam  has  been  classified  as  having  "High"  hazard 
potential  in  the  National  Inventory  of  Dams,  on  the  basis  that 
in  the  event  of  failure  of  the  dam  or  its  appurtenances, 
excessive  damage  could  occur  to  downstream  property,  together 
with  the  possibility  of  the  loss  of  life.  Our  findings  concur 
with  this  classification.  The  estimated  damage  zone  extends 
two  miles  downstream  of  the  dam.  U.S.  Highway  24  crosses  the 
estimated  damage  zone  twice  within  one  mile  and  a  dwelling 
lies  two  miles  downstream  of  the  dam.  One  pumphouse  is 
located  Immediately  downstream  of  the  dam. 

e.  Ownership 

The  Monroe  City  South  Lake  Dam  is  owned  by  the  City 
of  Monroe,  c/o  Mr.  Jack  Little,  Water  Superintendent,  300 
North  Main  Street,  Monroe  City,  Missouri,  63456. 

f .  Purpose  of  Dam 

The  purpose  of  the  dam  is  to  impound  water  for  use 
as  a  domestic  water  supply.  The  reservoir  is  also  used  for 
recreation. 

g.  Design  and  Construction  History 

The  Monroe  City  South  Lake  Dam  was  designed  by  W.B. 
Rollins  &  Company,  Consulting  Engineers,  of  Kansas  City,  and 
constructed  in  1937.  According  to  the  current  Water  Superin¬ 
tendent,  Mr.  Jack  Little,  the  design  and  construction  was  done 
as  a  W.P.A.  project.  A  set  of  plans  is  available  from  the 
Office  of  the  Water  Superintendent. 
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h.  Normal  Operational  Procedures 

Normal  operational  procedure  is  to  allow  the  lake 
to  remain  as  full  as  possible  at  all  times  with  the  water 
level  being  controlled  by  rainfall,  runoff,  evaporation, 
seepage  and  the  elevation  of  the  spillway  crest*  At  this  time 
the  reservoir  Is  being  used  for  water  supply  to  the  City  of 
Monroe. 
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Pertinent  Data 


a.  Drainage  Area  (square  miles): 

1.04 

b.  Discharge  at  Damsite 

Estimated  experienced  maximum  flood  (cfs) : 

50  cf s 

Estimated  ungated  spillway  capacity  with 
reservoir  at  top  of  dam  elevation  (cfs): 

867  cfs 

c.  Elevation  (feet  above  MSL) 

Top  of  dam: 

716.0 

Spillway  crest: 

713.0 

Normal  Pool 

713.0 

Maximum  Pool(PMF): 

717.73 

d.  Reservoir 

Length  of  pool  with  water  surface  at 
top  of  dam  elevation  (feet): 

3300.0 

Length  of  normal  pool  (feet): 

3200.0 

e.  Storage  (acre-feet) 

Top  of  dam: 

400 

Spillway  crest: 

217 

Normal  Pool: 

217 

Maximum  Pool  (PMF) : 

564 

f.  Reservoir  Surface  (acres) 

Top  of  dam: 

73 

Spillway  crest: 

50 

Normal  Pool: 

50 

Maximum  Pool(PMF): 

92+ 
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g.  Dam 

Type: 

Length: 

Structural  Height: 
Hydraulic  Height: 
Top  width: 

Side  slopes: 

Downstream 

Upstream 


Zoned  Earthfill 
972  feet 
31  feet 
31  feet 
12  feet 

IV  to  2H 
IV  to  2.5H 


Zoning: 


Two  -  clay  core  and  downstream 
shell 


Impervious  core: 


Upstream  clay  zone  and  a 
concrete  core  wall 


•Cutoff: 


Grout  curtain: 


Core  trench  with  variable  bottom 
width,  4  feet  in  depth  and  vertical 
walls 

Unknown 


h.  Diversion  and  Regulating  Tunnel  None 


i.  Spillway 

Type: 

Length  of  weir: 

Crest  Elevation  (feet  above  MSL): 

j.  Regulating  Outlets 

Type: 

Length: 

Closure: 

Maximum  Capacity: 


Rectangular  weir,  uncontrolled 

50.25  feet 

713.0 

6-inch  cast  iron  water  supply  pipe 
280  feet  (according  to  plans) 

Gate  Valve 
Unknown 


Type: 


9-inch  cast  iron  low  level  by-pass 
pipe 

Length:  300  feet  (according  to  plans) 

Closure:  Unknown 

Maximum  Capacity:  Unknown 
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SECTION  2  :  ENGINEERING  DATA 


2. 1  Design 

A  six  page  set  of  design  drawings  for  the  Monroe  City 
South  Lake  Dam  is  available  from  the  water  superintendent  for  the 
City  of  Monroe-  The  drawings  were  prepared  in  1937  by  W.B.  Rollins 
&  Co-,  Engineers,  and  appear  as  plates  in  this  report-  No  specifi¬ 
cations  for  the  project  were  available. 

2. 2  Construction 

According  to  Mr.  Little  the  dam  was  constructed  in  1937 
as  a  W.P.A.  Project.  No  construction  records  or  as  built  drawings 
were  available.  The  source  of  the  embankment  materials  is  unknown, 
however,  it  is  probable  that  soils  within  the  immediate  area  of  the 
dam  were  used. 

2. 3  Operation 

No  operation  records  are  available  for  the  Monroe  City 


South  Lake  Dam. 


Evaluation 


a*  Availability 

The  availability  of  engineering  data  is  poor  and 
consists  only  of  the  six  drawings  mentioned  in  Section  2.1, 
State  Geological  Maps  and  U.S.G.S.  Quadrangle  Sheets.  No 
information  on  subsurface  investigations  or  soil  testing  was 
available.  No  information  on  design  hydrology  or  hydraulic 
design  was  available,  nor  were  seepage  and  stability  analyses 
comparable  to  the  requirements  of  the  "Recommended  Guidelines 
for  Safety  Inspection  of  Dams",  which  is  considered  a  defi¬ 
ciency. 

b.  Adequacy 

The  conclusions  presented  in  this  report  are  based 
on  field  measurements,  the  available  engineering  data,  past 
performance  and  present  condition  of  the  dam.  The  data 
available  is  adequate  to  evaluate  the  hydraulic  and  the 
hydrologic  capabilities  of  the  dam. 

Seepage  and  stability  analyses  comparable  to  the 
requirements  of  the  "Recommended  Guidelines  for  Safety  Inspec¬ 
tion  of  Dams"  were  not  available,  which  is  considered  a 
deficiency.  These  seepage  and  stability  analyses  should  be 
performed  for  appropriate  loading  conditions  and  made  a  matter 
of  record. 
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c.  Validity 


The  slopes,  height,  crest  width,  discharge  channel. 
Intake  structure  and  pump  house  appear  to  be  in  agreement  with 
the  available  drawings.  The  alignment  on  the  left  side  of  the 
dam  and  the  spillway,  however,  were  not  constructed  as  shown 
on  the  drawings.  All  elevations  appearing  on  the  drawings 
appear  to  be  referenced  to  an  arbitrary  datum.  The  low  level 
outlet,  shown  on  the  drawing  to  be  a  14-inch  diameter  pipe  was 
actually  measured  at  9-inches  in  diameter. 


SECTION  3;  VISUAL  INSPECTION 


.  I  Findings 

a-  General 

A  visual  inspection  of  the  Monroe  City  South  Lake 
Dam  was  made  on  June  12,  1979.  The  following  persons  were 
present  during  the  inspection: 


_ Name _  _ Affiliation _ 

David  J.  Kerkes  Engineering  Consultants,  Inc. 

Peter  Howard  Engineering  Consultants,  Inc. 


Disciplines 

Soils 

Geology 


Mark  R.  Haynes  Engineering  Consultants,  Inc.  Civil,  Mechanical 

&  Structural 

Kenneth  L.  Bullard  Engineering  Consultants,  Inc.  Hydraulics  & 

Hydrology 

Kevin  J.  Blume  Consoer,  Townsend  Si  Assoc.,  Ltd.  Civil  and 

Structural 


Jack  Little  City  of  Monroe 


Water 

Superintendent 
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Specific  observations  are  discussed  below 


b.  Dam 

The  crest  of  the  dam  had  a  well  maintained  cover  of 
grass.  No  trees  were  growing  along  the  crest.  There  was  no 
evidence  of  significant  settlement  or  cracks  on  the  crest.  No 
significant  deviations  in  horizontal  or  vertical  alignment 
were  apparent.  Material  exposed  immediately  below  the  vegeta¬ 
tion  coyer  on  the  embankment  appeared  to  be  clayey  silt  to 
fine  sand.  According  to  Mr.  Little,  the  dam  has  never  been 
overtopped. 


The  upstream  slope  was  only  partially  visible  for 
inspection  owing  to  the  reservoir  level.  Considerable  brush 
is  growing  along  the  top  of  the  slope.  While  the  slope  is 
protected  by  riprap,  the  riprap  does  not  extend  to  the  crest 
and  erosion  has  occurred  immediately  above  the  protection. 
There  were  no  readily  apparent  signs  of  past  or  present 
distress  in  the  upstream  slope. 

The  downstream  slope  had  a  well  maintained  cover  of 
grass  with  no  signs  of  erosion.  There  were  no  trees  or  bushes 
growing  on  the  slope.  A  small  depression  was  apparent  in  one 
area  about  268  feet  from  the  right  abutment.  The  area  was 
about  12  feet  wide  and  extended  about  half  way  up  the  embank¬ 
ment  from  the  toe.  The  depression  is  apparently  the  result  of 
a  shallow  slide  which,  judging  from  the  grass  cover,  did  not 
occur  in  the  recent  past.  There  were  no  other  indications  of 
past  or  present  slope  instability.  There  were  no  cracks 
observed  in  the  downstream  slope.  No  seepage  was  observed 
along  the  downstream  toe.  Field  measurements  of  the  slope 
are,  for  the  most  part,  in  agreement  with  available  drawings. 
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Both  the  left  and  right  abutments  were  at  approxi¬ 
mately  the  same  elevation  as  the  crest  of  the  dam.  Both 
abutments  appeared  to  be  natural  earth  material  with  good 
grass  protection.  No  erosiou  or  cracking  was  observed  in 
either  abutment  along  the  embankment  contact.  No  seepage  was 
observed  in  or  around  either  abutment.  No  evidence  of  slope 
movement  was  apparent  in  either  abutment.  There  were  no 
readily  apparent  signs  of  damage  to  either  the  embankment  or 
abutments  due  to  burrowing  animals  at  the  time  of  the  inspec¬ 
tion.  We  were  informed  by  Mr.  Little  that  attempts  are  made 
to  control  burrowing  animals. 

c.  Appurtenant  Structures 

(1)  Spillway 

The  spillway  has  apparently  had  a  concrete  cap 
added  to  it  as  evidenced  by  the  condition  of  the  concrete 
relative  to  the  rest  of  the  spillway.  This  accounts  for  the 
difference  between  what  is  shown  on  the  available  drawings  and 
field  measurements  made  by  the  inspection  team.  The  concrete 
on  the  downstream  side  of  the  weir,  immediately  below  the  cap, 
has  undergone  severe  spalling.  Reinforcement  is  exposed  on 
the  right  side  of  the  spillway  (as  viewed  looking  downstream). 
Standing  water  was  also  observed  in  this  location.  Immed¬ 
iately  downstream  of  the  weir,  on  the  right  wingwall,  leaching 
deposits  were  observed.  Some  minor  temperature  cracks  were 
observed  in  the  spillway  cap  along  with  a  small  amount  of 
spalling  on  the  upstream  side.  No  displacement  was  observed 
in  construction  Joints.  The  concrete  wingwalls  appeared  to  be 
in  good  condition.  The  discharge  apron  has  deteriorated 
severely  as  a  result  of  cracking  and  spalling. 
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(2)  Outlet  WorkH 


The  Intake  structure  of  the  6-inch  outlet  pipe  was 
not  accessible  at  the  time  of  the  inspection*  It  was  reported 
by  Mr.  Little,  however,  that  all  the  valves  are  operable  and 
the  pumps  are  used  regularly. 

The  downstream  side  of  the  low  level  outlet  was 
found  to  be  a  9-inch  diameter  pipe,  not  a  14-inch  diameter 
pipe  as  shown  on  available  drawings. 

d.  Reservoir  Area 

The  water  surface  elevation  was  at  712.5  feet  above 
MSL  on  the  day  of  inspection. 

The  slopes  along  the  reservoir  rim  are  gentle  with 
good  grass  protection.  No  evidence  of  past  or  present  insta¬ 
bility  of  the  slopes  was  readily  apparent. 

e.  Downstream  Channel 

The  discharge  channel  is  a  50-foot  wide  stone  and 
mortar  channel  with  i.OH  to  1.0V  side  slopes.  The  channel  is 
obstructed  by  a  heavy  growth  of  vegetation.  Seepage  was 
observed  emerging  in  the  discharge  channel  approximately  75 
feet  downstream  of  the  spillway,  however,  the  amount  was 
minimal  and  clear. 
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3.2 


Evaluation 


The  visual  inspection  did  not  reveal  any  conditions 
which  were  felt  to  pose  an  immediate  threat  to  the  safety  of  the 
structure,  however,  certain  conditions  do  exist  which  warrant 
attention.  The  following  items  were  observed  which  could  affect 
the  safety  of  the  dam  or  which  will  require  maintenance  within  a 
reasonable  period  of  time. 

1.  The  considerable  amount  of  erosion  due  to  wave 
action  on  the  upstream  slope,  if  allowed  to  contin¬ 
ue,  could  Jeopardize  the  structural  stability  of  the 
dam. 

2.  The  vegetation  in  the  downstream  channel  of  the 
spillway  will  reduce  the  hydraulic  efficiency  of  the 
channel. 

3.  The  severe  deterioration  of  the  concrete  in  the 
spillway  and  discharge  apron  could  jeopardize  the 
structural  integrity  of  the  spillway. 

4.  A  small  depression  on  the  downstream  slope  caused  by 
a  shallow  slide  should  be  repaired. 
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SECTION  4:  OPERATIONAL  PROCEDURES 


4. 1  Procedures 

Monroe  City  South  Lake  Dam  was  built  and  is  primarily 
used  for  water  supply.  Water  levels  are  checked  periodically  as 
are  the  water  supply  pumps.  The  city  water  superintendent  handles 
most  of  the  operation  and  maintenance  regarding  the  pumps.  There 
are  three  inlet  levels  to  the  intake  tower  and  these  valves  are 
also  operated  by  the  water  superintendent  as  he  deems  necessary. 
Generally  the  vertically  mounted  pump  operates  continuously  and  at 
this  time  the  centrifugal  pump  is  not  in  service  and  awaiting 
repairs. 


4. 2  Maintenance  of  Dam 

The  dam  Itself  is  maintained  by  city  workers  under  the 
direction  of  the  water  superintendent.  The  city  crews  keep  the 
grass  mowed  on  the  slope  and  maintain  the  downstream  slope  free  of 
trees  and  brush.  There  have  not  been  any  major  repairs  done  to  the 
dam  itself  since  its  original  construction. 

4.3  Maintenance  of  Operating  Facilities 

The  operating  facilities  at  the  damsite  consist  of  the 
Intake  tower  and  associated  valves,  the  pumphouse  which  contains  a 
wet  well  with  two  pumps,  and  the  low  level  outlet.  All  of  the 
facilities  are  maintained  by  the  water  superintendent  along  with 
city  workers. 
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According  to  Mr.  Little,  all  of  the  Intake  valves  are 
operable.  The  horizontally  mounted  centrifugal  pump  is  not  in 
operation  at  this  time  due  to  needed  repairs. 

It  appears  that  the  low  level  outlet  pipe  has  not  been 
utilized  in  a  long  time.  The  standpipe  which  houses  the  valve  for 
the  outlet  was  filled  with  rust  colored  water  and  it  is  question¬ 
able  whether  or  not  this  valve  is  operable. 

4. 4  Description  of  Any  Warning  System  in  Effect 

The  inspection  team  was  not  informed  by  the  owners' 
representative  of  any  existing  warning  system  in  effect. 

4*  5  Evaluation 

While  the  crest  and  downstream  slope  appear  to  be 
adequately  maintained,  more  attention  should  be  given  to  the 
erosion  occurring  along  the  upstream  crest  and  the  vegetation 
growing  in  this  area.  The  vegetation  growing  in  the  discharge 
channel  should  also  be  controlled.  The  low  level  outlet  should  be 
maintained  operable. 


SECTION  5:  HYDRAULIC/HYDROLOGIC 


•I  Evaluation  of  Features 


a.  Design 

The  watershed  area  of  Monroe  City  South  Lake  Dam 
upstream  from  the  dam  axis  consists  of  approximately  668 
acres.  The  watershed  area  Is  mostly  farmland  with  some 
forested  areas.  Land  gradients  in  the  higher  regions  of  the 
watershed  average  roughly  1  percent,  and  in  the  lower  areas 
surrounding  the  reservoir  average  about  2  percent.  The  Monroe 
City  South  Lake  Reservoir  is  located  off stream  of  Little 
Indian  Creek.  At  its  longest  arm  the  watershed  is  approxi¬ 
mately  0.7  mile  long.  A  drainage  map  showing  the  watershed 
area  is  presented  as  Plate  1  in  Appendix  B. 

Evaluation  of  the  hydraulic  and  hydrologic  features 
of  Monroe  City  South  Lake  Dam  was  based  on  criteria  set  forth 
in  the  Corps  of  Engineers'  "Recommended  Guidelines  for  Safety 
Inspection  of  Dams",  and  additional  guidance  provided  by  the 
St.  Louis  District  of  the  Corps  of  Engineers.  The  Probable 
Maximum  Flood  (PMF)  was  calculated  from  the  Probable  Maximum 
Precipitation  (PMP)  using  the  methods  outlined  in  the  U.S. 
Weather  Bureau  Publication,  Hydrometeorological  Report  No.  33. 
The  probable  maximum  storm  duration  was  set  at  24  hours,  and 
storm  rainfall  distribution  was  based  on  criteria  given  in  EM 
1110-2-1411  (Standard  Project  Storm).  The  SCS  method  was  used 
for  deriving  the  unit  hydrograph,  utilizing  the  Corps  of 
Engineers'  computer  program  HEC-1  (Dam  Safety  Version).  The 
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unit  hydrograph  parameters  are  presented  In  Appendix  B.  The 
SCS  method  was  also  used  for  determining  the  loss  rate*  The 
hydrologic  soil  group  of  the  watershed  was  determined  by  use 
of  published  soil  maps.  The  hydrologic  soil  group  of  the 
watershed  and  the  SCS  curve  number  are  presented  in  Appendix 
B.  The  curve  number,  the  unit  hydrograph  parameters,  the  PMP 
index  rainfall  and  the  percentages  for  various  durations  were 
directly  input  to  the  HEC-1  (Dam  Safety  Version)  computer 
program  to  obtain  the  PMF  hydrograph.  The  computed  peak 
discharges  of  the  PMF  and  one-half  of  the  PMF  are  9,887  cfs 
and  4,944  cfs  respectively. 

Both  the  PMF  and  one-half  of  the  PMF  inflow  hydro¬ 
graphs  were  routed  through  the  reservoir  by  the  Modified  Puls 
Method  also  utilizing  the  HEC-1  (Dam  Safety  Version)  computer 
program.  The  reservoir  was  assumed  at  the  spillway  crest 
level  at  the  start  of  the  routing  computation.  The  peak 
outflow  discharges  for  the  PMF  and  one-half  of  the  PMF  are 
7,645  and  3,344  cfs  respectively.  Both  the  PMF  and  one-half 
of  the  PMF,  when  routed  through  the  reservoir  result  in 
overtopping  of  the  dam. 

The  stage-outflow  relation  for  the  spillway  was 
prepared  from  field  notes  and  sketches  prepared  during  the 
field  inspection.  The  reservoir  stage-capacity  data  were 
based  on  the  U.S.G.S.  Joanna  and  Monroe  City,  Missouri  Quad¬ 
rangle  topographic  maps  (7.5  minute  series).  The  spillway  and 
overtop  rating  curve  and  the  reservoir  capacity  curve  are 
presented  as  Plates  2  &  3,  respectively,  in  Appendix  B. 
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From  the  standpoint  of  dam  safety,  the  hydrologic 
design  of  a  dam  aims  at  avoiding  overtopping.  Overtopping  is 
especially  dangerous  for  an  earth  dam  because  the  downrush  of 
waters  over  the  crest  can  erode  the  dam  embankment  and  release 
all  the  stored  water  suddenly  into  the  downstream  floodplain. 
The  safe  hydrologic  design  of  a  dam  requires  a  spillway 
discharge  capability,  in  combination  with  an  embankment  crest 
height  that  can  handle  a  very  large  and  exceedingly  rare  flood 
without  overtopping. 

The  Corps  of  Engineers  designs  its  dams  to  safely 
pass  the  Probable  Maximum  Flood  that  is  estimated  could  be 
generated  from  the  upstream  watershed.  This  is  the  generally 
accepted  criterion  for  major  dams  throughout  the  world,  and  is 
the  standard  for  dam  safety  where  overtopping  would  pose  any 
threat  to  human  life.  According  to  the  Corps'  criteria,  the 
hydrologic  requirement  for  safety  for  this  dam  is  the  capabil¬ 
ity  to  pass  from  one-half  of  the  Probable  Maximum  Flood  to  the 
Probable  Maximum  Flood  Without  overtopping. 

b.  Experience  Data 

No  records  of  reservoir  stage  or  spillway  discharge 
are  maintained  for  this  site.  However,  according  to  the 
representative  of  the  owner,  the  maximum  reservoir  level  was 
about  6-inches  above  the  spillway  crest. 

c.  Visual  Observations 

Observations  made  of  the  spillway  during  the  visual 
inspection  are  discussed  in  Section  3.1c(l)  and  evaluated  in 
Section  3.2. 
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d.  Overtopping  Potential 

As  indicated  in  Section  5.1a,  both  the  Probable 
Maximum  Flood  and  one-half  of  the  Probable  Maximum  Flood,  when 
routed  through  the  reservoir,  resulted  in  overtopping  of  the 
dam.  The  peak  outflow  discharge  for  PMF  and  one-half  of  the 
PMF  are  7,645  cfs  and  3,344  cfs  respectively.  The  PMF  over¬ 
topped  the  dam  crest  by  1.73  feet  and  one-half  of  the  PMF 
overtopped  the  dam  crest  by  0.81  feet.  The  total  duration  of 
embankment  overflow  is  5.67  hours  during  the  PMF,  and  3.08 
hours  during  one-half  of  the  PMF.  Hie  spillway  and  the 
reservoir  of  Monroe  City  South  Lake  Dam  are  capable  of  accom¬ 
modating  a  flood  equal  to  approximately  25  percent  of  the  PMF 
just  before  overtopping  the  dam.  The  spillway  and  the  reser¬ 
voir  of  Monroe  City  South  Lake  Dam  will  accommodate  the  100- 
year  flood  without  overtopping  the  dam. 

The  failure  of  the  dam  could  cause  extensive  damage 
to  the  property  downstream  of  the  dam  and  possible  loss  of 
life.  The  estimated  damage  zone  extends  about  2  miles  down¬ 
stream  of  the  dam.  Within  the  damage  zone  are  a  pumphouse, 
one  dwelling,  and  two  crossings  of  U.S.  Highway  24. 


SECTION  6:  STRUCTURAL  STABILITY 


Evaluation  of  Structural  Stability 

a.  Visual  Observations 

Evidence  of  a  past  small  shallow  slide  was  apparent 
in  the  downstream  slope  as  described  in  Section  3.1b.  The 
slide  does  not  appear  to  jeopardize  the  overall  safety  of  the 
structure.  In  the  absence  of  seepage  and  stability  analyses, 
however,  no  quantitative  evaluation  of  the  structural  stabil¬ 
ity  can  be  made.  There  were  no  other  indications  of  past  or 
present  slope  instability. 

The  crest  along  the  upstream  side  is  undergoing 
some  erosion,  however,  it  does  not  threaten  the  safety  of  the 
dam  at  this  time. 

b.  Design  and  Construction  Data 

No  design  computations  were  uncovered  during  the 
report  preparation  phase.  Seepage  and  stability  analyses 
comparable  to  the  requirements  of  the  "Recomended  Guidelines 
for  Safety  Inspection  of  Dams"  were  not  available.  No  embank¬ 
ment  or  foundation  soil  parameters  are  available  for  carrying 
out  a  conventional  stability  analysis  on  the  embankment.  No 
construction  data  or  specifications  relating  to  the  degree  of 
embankment  compaction  are  available  for  use  in  a  stability 
analysis. 


c.  Operating  Records 

No  operating  records  are  available  relating  to  the 
stability  of  the  dam.  According  to  the  owner's  representa¬ 
tive,  the  embankment  has  served  satisfactorily  since  it  was 
constructed  with  no  history  of  problems,  to  the  best  of  his 
knowledge. 

d.  Post  Construction  Changes 

There  are  no  records  of  post-construction  changes, 
however,  it  appears  that  the  spillway  crest  was  raised  at  some 
point  after  construction. 

e.  Seismic  Stability 

The  dam  is  located  in  seismic  Zone  1,  as  defined  in 
"Recommended  Guidelines  For  Safety  Inspection  of  Dams"  as 
prepared  by  the  Corps  of  Engineers,  and  therefore,  does  not 
require  a  seismic  stability  analysis. 
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SECTION  7:  ASSESSMENT/REMEDIAL  MEASURES 


7.1  Dam  Assessment 


The  assessment  of  the  general  condition  of  the  dam  is 
based  upon  available  data  and  visual  inspections.  Detailed  inves¬ 
tigations,  testing,  and  detailed  computational  evaluations  are 
beyond  the  scope  of  a  Phase  I  investigation;  however,  the  investi¬ 
gation  is  intended  to  identify  any  need  for  such  studies* 

It  should  be  realized  that  the  reported  condition  of  the 
dam  is  based  on  observations  of  field  conditions  at  the  time  of 
inspection  along  with  data  available  to  the  inspection  team. 

It  is  also  important  to  note  that  the  condition  of  a  dam 
depends  on  numerous  and  constantly  changing  internal  and  external 
conditions,  and  is  evolutionary  in  nature.  It  would  be  incorrect 
to  assume  that  the  present  condition  of  the  dam  will  continue  to 
represent  the  condition  of  the  dam  at  some  point  in  the  future. 
Only  through  continued  care  and  inspection  can  there  be  any  chance 
that  an  unsafe  condition  could  be  detected. 

a.  Safety 

The  spillway  capacity  of  Monroe  City  South  Lake  Dam 
was  found  to  be  "Seriously  Inadequate".  The  spillway/ reser¬ 
voir  system  will  accommodate  only  25  percent  of  the  PMF 
without  overtopping  the  dam.  However,  the  spillway/ reservoir 
!  system  can  accommodate  the  100-year  flood  without  overtopping. 


No  definitive  statement  pertaining  to  the  safety  of 
the  embankment,  based  on  quantitative  information,  can  be  made 
in  view  of  the  absence  of  seepage  and  stability  analyses  for 
the  dam*  The  present  embankment,  however,  has  reportedly 
performed  adequately  since  its  construction  without  failure  or 
evidence  of  instability.  The  dam  has  reportedly  never  been 
overtopped  and  no  evidence  was  uncovered  indicating  the 
contrary. 


Some  deficiencies  were  observed  which  could  affect 
the  safety  of  the  dam.  These  deficiencies  are:  wave  erosion 
on  the  upstream  slope;  heavy  vegetation  in  the  downstream 
channel;  the  deteriorated  concrete  in  the  spillway  and  dis¬ 
charge  apron;  and  a  small  depression  on  the  downstream  slope 
as  a  result  of  a  shallow  slide*  Remedial  actions  should  be 
undertaken  to  correct  or  control  these  deficiencies.  The  lack 
of  seepage  and  stability  analyses  on  record  is  also  a  defi¬ 
ciency  which  should  be  corrected. 

b.  Adequacy  of  Information 

The  conclusions  presented  in  this  report  are  based 
on  field  measurements,  the  available  engineering  data,  past 
performance  and  present  condition  of  the  dam.  Information  on 
the  design  hydrology,  hydraulic  design,  and  the  operation  and 
maintenance  of  the  dam  as  well  as  seepage  and  stability 
analyses  were  not  available. 

c.  Urgency 

A  program  should  be  developed  as  soon  as  possible 
to  monitor,  at  regular  intervals,  the  deficiencies  described 
in  this  report.  The  remedial  measures  recommended  in  para¬ 
graph  7.2  should  be  accomplished  in  the  near  future.  The  item 
recommended  in  paragraph  7.2a  should  be  pursued  on  a  high 
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priority  basis 


d.  Necessity  for  Phase  II  Inspection 

Based  on  results  of  the  Phase  I  inspection,  a  Phase 
II  inspection  is  not  felt  to  be  necessary* 

7*2  Remedial  Measures 


The  remedial  measures  listed  below  should  be  performed 
under  the  guidance  of  an  engineer  experienced  in  the  design  and 
construction  of  earthen  dams. 

a.  Alternatives: 

Spillway  capacity  and/or  height  of  the  dam  should  be 
increased  to  accommodate  the  PMF  without  overtopping  the  dam.  The 
overtopping  depth  during  the  occurrence  of  the  PMF,  stated  else¬ 
where  in  this  report  is  not  the  required  or  recommended  increase  in 
height  of  the  dam. 

b.  0  &  M  Procedures: 

1.  Deteriorated  concrete  should  be  removed  from  the  spillway 
and  discharge  apron  and  repairs  made  to  the  damaged 
areas. 

2.  All  brush  should  be  cleared  from  the  upstream  slope. 

3.  The  erosion  along  the  upstream  crest  should  be  repaired 
and  the  area  should  be  protected  with  proper  riprap  to 
prevent  future  erosion. 
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All  brush  should  be  cleared  from  the  discharge  channel. 

The  9-inch  diameter  low  level  outlet  should  be  restored 
to  an  operable  condition. 

Seepage  and  stability  analyses  should  be  performed  by  a 
professional  engineer  experienced  in  the  design  and 
construction  of  dams. 

The  small  depression  on  the  downstream  slope  caused  by  a 
shallow  slide  should  be  repaired. 

The  owner  should  initiate  the  following  programs: 

(a)  Periodic  inspection  of  the  dam  by  a  professional 
engineer  experienced  in  the  design  and  construction 
of  earthen  dams. 

(b)  Set  up  a  maintenance  schedule  and  log  all  visits  to 
the  dam  for  operation,  repairs  and  maintenance. 
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PLATE-1 


LOCATION  MAP  -  MONROE  CITY  SOUTH  LAKE  DAM 
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APPENDIX  A 

PHOTOGRAPHS  TAKEN  DURING  INSPECTION 


Monroe  City  South  Lake  Dam 


Photo  1. 
Photo  2. 

Photo  3. 
Photo  4. 
Photo  5. 


Photo  6. 

Photo  7. 

Photo  8. 

Photo  9. 

Photo  10. 

Photo  11. 

Photo  12. 

Photo  13. 


View  of  the  downstream  embankment  slope. 

View  of  the  crest  and  the  upstream 
embankment  slope. 

View  of  the  upstream  embankment  slope. 

View  of  the  approach  to  the  spillway. 

View  of  the  spillway  and  the  discharge 

channel.  Note  leaching  of  retaining  walls 
and  spalling  of  concrete  in  the  discharge 
channel. 

View  of  the  spalling  concrete  on  vertical 
wall  of  spillway. 

View  of  the  spalling  concrete,  exposed 

reinforcement  and  seepage  in  the  spillway. 

View  of  the  leaching  concrete  of  the 

retaining  walls  of  the  spillway  discharge 
channel. 

View  of  the  spalling  concrete  in  the 

discharge  channel  of  the  spillway. 

View  of  the  spillway  discharge  channel  and 
the  spillway. 

View  of  the  downstream  discharge  channel 
to  the  spillway. 

View  of  the  outlet  to  the  9-inch  low  level 
outlet  pipe. 

View  of  the  intake  control  structure  and 
the  reservoir  rim. 


Photo  14 


View  of  the  pump 
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Photo  12 


APPENDIX  B 

HYDROLOGIC  COMPUTATIONS 


PLATE  I ,  APPENOIX  B 
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